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IL A Vefcription of the Water- Works at Lon- 
don-Bridge, explaining the Draught o/TaB. I. 
(By H Beighton, F. % S. 

THE Wheels are placed under the Arches of 
London* Bridge, .and moved by the common 
Stream of the Tide- Water of the River Thames* 

AB the Axle-tree of the Water- Wheel, 19 Feet 
long, 3 Feet Diameter, in which C, D, E, F, are four 
Sets of Arms, eight in each Place, on which are fixed 
GGGG y four Rings, or Sets of Felloes, in Diameter 
20 Feet, and the Floats HHH, 14 Feet long and 18 
Inches deep, being about x6 in Number.. 

The Wheel lies with its two Gudgeons, or Centers* 
A B, upon two Braffes in the Pieces M N, which are 
two great Levers, whofe Fulcrum, or Prop, is an 
arched Piece of Timber L, the Levers being made 
circular on their lower Sides to an Arch of the Radius 
M O, and kept in their Places by two arching Studs 
fixed in the Stock L, through two Mortifes in th$ Ler 
ver M N. 

The Wheel is, by thefe Levers, made to rife and 
fall with the Tide, which is performed in this Manner.. 
The Levers MN are 16 Feet long ; from M, the Ful- 
crum of the Lever, to O the Gudgeon of the Water- 
Wheel, 6 Feet ; and from O to the Arch at N, 10, 
Feet To the Bottom of the Arch N is fixed a ftrong 
triple Chain P, made after the Faftiion of a Watch* 
Chain, but the Links arched to a Circle of one Foot. 
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( 6) 

Diameter, having Notches, or Teeth, to take hold of 
the Leaves of a Pinion of caft Iron d, 10 Inches Di- 
ameter, with eight Teeth in it moving on an Axis. The 
other loofe End of this Chain has a large Weight hang- 
ing at it, to help to counterpoife the Wheel, and preferve 
the Chain from Hiding on the Pinion. On the fame 
Axis is fixed a Cog-Wheel R, 6 Feet Diameter, with 
48 Cogs. To this is applied a Trundle, or Pinion, S, 
of fix Rounds, or Teeth ; and upon the fame Axis is 
fixed T, a Cog-Wheel of 5 1 Cogs, into which the 
Trundle V, of fix Rounds, works ; on whofe Axis is a 
Winch, or Windlafs, W, by which one Man, with the 
two WindlafTes, raifes or lets down the Wheel as there 
is Occafion. 

And becaufe the Fulcra of thefe Levers, M N, are in 
the Axis of the Trundle K, viz. at M or X, in what 
Situation foever the Wheel is raifed or let down^ the 
Cog-Wheel 1 1, is always equidiftant from M, and works, 
or geers truly. 

By Means of this Machine the Strength of an ordi- 
nary Man will raife about fifty Ton Weight. 

I, I, is a Cog-Wheel fixed near the End of the great 
Axis, 8 Feet Diameter, and 44 Cogs working into a 
Trundle K, of 41 Foot Diameter, and 20 Rounds, whofe 
Axis or Spindle is of Caft Iron 4 Inches in Diameter, 
lying in Brafies at each End, as at X. 

ZZis a quadruple Crank of Caft Iron, the Metal be- 
ing 6 Inches fquare, each of the Necks being turned one 
Foot from the Center, which is fixed in Braffes at each 
End in two Head-ftocks faftned down by Caps, One 
End of this Crank at Y is placed clofe abutting to the 
End of the Axle-tree X, where they are at thofe Ends 
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fix Inches Diameter, each having a Slit la the Ends, 
where an Iron Wedge is put, one half into the End X, 
the other half into Y, by Means of which the AxisX 
turns about the Crank Z Z. 

The four Necks of the Crank have each an Iron 
Spear, or Rod, fixed at their upper Ends to the re- 
fpeftive Libra, or Lever, a i, a, 3, 4, within three 
Foot of the End. Thefe Levers are 24 Feet long, mo- 
ving on Centers in the Frame b b b b ; at the End of 
which, at c 1, x, 3, 4, are jointed four Rods with their 
forcing Plugs working into d 1, 2, 3, 4, four Caft Iron 
Cylinders four Feet three quarters long, feven Inches 
Bore above, and nine below where the Valves lie, fa- 
ttened by skrewed Flanches, over the four Holes of a 
hollow Trunk of Caft Iron, having four Valves in it 
juft over e e e e^ at the joining oh of the Bottom o£ 
the Barrels, or Cylinders, and at one End a fucking 
Pipe and Grate/, going into the Water, which fupplies 
all the four Cylinders alternately. 

From the lower Part of the Cylinders d i, d 2, d 3,. 
d^ y come out Necks turning upward Arch-wife, as 
g g g g, whofe upper Parts are caft with Flanches to 
skrew up to the Trunk hhh h\ which Necks have 
Bores of 7 Inches Diameter, and Holes in the Trunk 
above communicating with them, at which Joining are 
placed four Valves. The Trunk is caft with four Boflfes, 
or Protuberances, (landing out againft the Valves to 
give room for their opening and (hutting ; and on the 
upper Side are four Holes flopped with Plugs, to take 
out on Occaflon, to cleanfe the Valves. One End of 
this Trunk is (lopped by a Plug i. To the other, Iron 
Pipes are joined, as i x, by Flanches, through which 
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the Water is forced up to any Height or Place re- 
quired. 

Befides thefe four Forcers, there are four more placed 
at the other Ends of the Libra?, or Levers (not (hewn 
here to avoid Confufion, but to be feen on the left 
Hand) the Rods being fixed at a i, x, 3, 4, working in 
four fuch Cylinders, with their Parts d d^ &c. e e % 
f\ gg, and /, as before defcribed, ftanding near kL 

At the other End of the Wheel (at B) is placed all 
the fame Sort of Work as at the End A is defcribed, 
viz. 

The Cog-Wheel I. The four Levers ac> ac, £tV. 
The Trundle K. 8 forcing Rods ad^a d£fc« 
The Spindle X. 8 Cylinders de, de, £fc. 

The Crank ^ Y, Z ; 4 Trunks, fuch as ee % h h. 
The fucking Pipes f z forcing Pipes, as /. 
So that one flngle Wheel works 16 Pumps. 

All which Work could not be drawn in one per* 
fpeftive View, without making it very much con- 
fufed. 

^Calculation of the Quantity of Water raifedly 
the Engines at London-Bridge. 

In the ift Arch next the City is one Wheel! , ^ 

with double Work of— _J>i6fcorcers. 

q ift Wheel double Work at one / 
In the 3d\ End, and fingle at the other y z 

Arch ixd Wheel in the Middle 8 

V3d Wheel — - — 16 

In all $z Forcers. 
One 
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One Revolution of a Wheel makes in? , e . i 
every Forcer — — j^rokes, 

Sotliatone Turn of the 4 Wheels makes 114 Strokes. 

When the River is at beft, the Wheels go^ 
fix times round in a Minute, and but 4? > 6 

at middle Water ■ — » 3 

The Number of Strokes in a Minute 684 

The Stroke is ii Feet,in a 7 Inch Bore,raifes 3 

They raife per Minute zo$zl_ 
That is, 1x3120 Gallons = 19 5^ HogQieads/^r Hour, 
and at the Rate of 46896 Hogfheads in a Day, to 
the Height of no Feet. 

This is the utmoft Quantity they can raife, fup- 
pofing there were no Imperfedions or Lofs at all. 

But it is certain from th$ Confederations follow-* 
ing % that no Engine can raife fo much as will anfwer 
the Quantity of Water the Cylinder contains in the 
Length of the Forcer, or P ij on 9 s Motion : For, 

Firft, The opening and fhutting of the Valves lofe 
nearly fo much of that Column, as the Height they 
rife and fall. 

Secondly, No Leather is ftrong enough for the Pi- 
flon, but there muft continually flip or fqueeze by fome 
Water, when it is raifed to a great Height j ^nd when 
the Column is fhort, it will not prefs the Leather 
enough to the Cylinder^ or Barrel: But efpecially at 
the Beginning, of firli moving. of the Pifton, there is 
fo little Weight on it, that before the Leather can ex- 
pand,; there is fovrie Lofs. 

fhird^ And. this Lofs is more or lefs, as the Pi- 
ftdns are footer or ftraighter leathered. 

Fourthly, When the Leathers grow too foft, they 
are not capable of fuftaining the Pillar to be raifed. 

B Fifthly, 
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Fifthly v If they are leathered very tight, as to lofe 
no Water, then a -great Part of the Engine's Force is 
deftroyed by the Fri£tion. 

By fome Experiments I have accurately made, , on 
Engines whofe Parts are large and excellent^ per- 
formed, they will lofe f and fometimes % of the calcu- 
lated Quantity. 

However, the Perfe&ions or Errors of Engines are 
to be compared together, by the calculated '"Quantities 
ct Forces ; for as they differ in lhof£, they will propor- 
tionabiy differ ifithei* a&U£i PtrForm^a^es. 

ftbe Power by which the Wheels are moved. 
The Weight of the Pillar of Water on a Forcer 7 
Inches Diameter, and ixo Foot high. 

7x7=* 4$ft The Voun&s^verdiipflife in 
40 Ya rds high, [a 3£ard nearly. 
i960 lb on one Forcer. 
8 V F orcers always lifting. 

ThewholeWeight 156801b = 140(7/-.= /TunWeight 
on the Engine at once. 

Then the Crank pulls the Libra 3 Feet from the 
Forcer, and 8,3 Feet from the Center, 
7 Tun 
X ii-3 
8,3)79.1 (9,5 Tun on the Crank. run. 

Waliower x,i)9,5r(4»3 onTrundle. 
The Spur Wheel 4 

The Radius of the great Wheel 10) ij % %fi%7% Tun. 

\ 20 

The Force on the Floats 1 8 Ct. 40 lb 34*40 Ct. 
But to allow for Fridion and Velocity, may be reck- 
oned x Tun *. 

The 
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The Ladles or Paddles 14? ■«,.,„-. v^t. 

Foot long, 18 Inches deep,- X> = **.4*1U«*«** 
The Fall of Water is fometimes % Feet. 

44$ 

tfGalUnaCub.Ft 

io,tfc in a Gallon* 
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the Velocity of the Water, 4 Feet in zi lU of Time. 

ax'"' — 4 Ft. :: — 60": = £85- Feet per Minute. 

TheVeiocity of the Wheel == 310 Feet per Minute. 

Quantity expended on the Wheel, according to the 
Velocity of the 'Stream 1433 Hogfheadsj^r §eeond. 

But at the Velocity of the Wheel 645 Hog&eads/w 
Second. 

The Velocity of the Wheel to the Velocity of the 
Water, as 1 to zx. 

Some Observations on thefe Water* Works. 

Although they may juftly be efteemed as good as 
any in Europe* yet are there, as I conceive, fome 
Things which might he altered very much for the 
better. 

Ftrfty If ioftead of fixteen Forcers they worked 
only eight, the Stroke might be five Feet in each For- 
cer, which would draw a great deal -more Water with 
the fame Power on the Wheel ; for then there would 
be hut half the opening and fliutt;ing of Valves y ^nfe- 
quently hat half that Lofs : And a five Fopt Stroke 
draws above double the Quantity of two Strokes 
of zi each, by near j, in regard the Velocity is 

B 2 double, 
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double, which is the mod valuable Confideration 
in an Engine, where the Pipes will fuftain fuch 
Force. 

Secondly , The Bores that carry off the Water from 
the Forcers are too fmall, there being (nearly) always 
two Pillars of 7 Inches Diameter, forcing into one Pipe 
of the fame Diameter, and 7 x 7 = 49 + 49 = 98. 

Therefore thofe Pipes of Conveyance fhould be near 
nine Inches Diameter. 

The Perfections of the Machine. 

The Timber-work is all admirably well performed, 
and the Compofition and Contrivance, for Strength and 
Ufefulnefs, not exceeded by any I have feen. 

The caft Iron Cranks are better than wrought ones, 
by reafon they are very ftiff, and will not be ftrained, 
but fooner break ^ but then they are cheap, and new 
oneseafily put in. 

The Wedge for putting on or releafing the Crank 
and Forcers, is better than the Aiding Sockets common- 
ly ufed. 

The forcing Barrels, Trunks, and all their Apparatus, 
are very curioufly contrived for putting together, mend- 
ing, altering or eleanfing, and fubje<5t to as little Fri&ion 
as poffible in that Part. 

The Machine for railing and falling the Wheels is 
very good, though but feldom ufed, as they tell me- 
for they will goat almoft any Depth of Water, and as 
the Tiae turns, the Wheels go the fame Way with it. 
Thefe Machines at London-Bridge are far fuperior 
to thofe fo much famed at Marly in France \ in re- 
gard the latter are very ill defigned in their Cranks, 
and fome other Parts. 

III. Epiftola 



